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SUBJECT: PARIS AIR SHOW, IBM UTILITIES 

FOR CANONICO 

IBM CONTACTED THIS OFFICE FRIDAY 4 APRIL TO ADVISE THAT 
"CC-1 DATA PROCESSING SYSTEM" (REF: YOUR FORM DIB-426P) 

WILL REQUIRE SOURCE OF FORCED AIR FOR COOLING. AIR 
REQUIREMENT ACCIDENTALLY OMITTED ON BID-426P. 

NO FILTERING OR DEHUMIDIFICATION OF AIR REQUIRED. HOWEVER, 
AIR TEMPERATURE MUST WE 8U DEGREES FAHRENHEIT OR LESS. 

AIR REQUIRED AT FOUR LOCATIONS ON "CC-1, EQUIPMENT. YOU 
MAY PROVIDE AIR AT ONE LOCATION IN BOOTH AND IBM WILL DUCT 
TO REQUIRED LOCATIONS. AIR COLU;E REQUIRED: 52 POUNDS/MIN 
(TOTAL) OR 728 CFM ( OTAL) AT 80 DEGREES FAHRENHEIT. IF 
CANNOT GUARANTEE 80 DEGREES FAHRENHEIT LIMIT, THEN AIR 
REFRIGERATION MUST BE PROVIDED. YOU MUST ADVISE IBM OF 
USDOC SUPPLIED DUCT CONFIGURATION (SQUARE/ROUND/RECTAN- 
GULAR) TO PERMIT IBM TO FABRICATE APPROPRIATE CONNECTOR 
DUCTS TO INTERFACE W/ EQUIPMENT. 

IBM PLANS EXHAUSTING AIR INTO PLENUM BELOW BOOTH FLOOR. 
THIS REQUIRES 6 INCHES FLOOR ELEVATION. IBM STATES THEY 
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IBM ASKS INFO REGARDING ELECTRICAL PLUG COMPATIBILITY 
FOR EQUIPMENT POWER CABLE. WE SUGGEST DELETION ALL 
ELECTRICAL PLUGS AND REQUIRING ELECTRICAL CONTRACTOR 
PROVIDE SAME. ADVISE SUITABILITY. 

IBM STATES ALL EQUIPMENT DISPLAYED PAS '75 BUILT TO 
OPERATE ON MIL SPEC. NO. 704 POWER SUPPLY. THIS SPEC. 

DETAILS TOLERANCES AT, I .OWED FOR VOLTAGE FLUCTUATIO,, 
PHASE SHIFT AND OTHER POWER CHARACTERISTICS. DEVIATIONS 
FROM NO. 704 SPEC. WILL CAUSE EQUIPMENT MALFUNCTION 
AND/OR FAILURE. IF USDOC UTILIZING U. S. MILITARY POWER 
SUPPLY THEN SHOULD BE NO PROBLEM - OTHERWISE ADVISE IBM 
SOONEST. 

IBM CONTACT: K. W. ZEITER OR ORLANDO KATTER 
IBM FEDERAL SYSTEMS DIVISION 
OWEGO, TIOGA COUNTY 
NEW YORK 13827 

IBM TELEX: 932-445 

IBM ADVISES FLOOR PLAN W/ELECTRICAL OUTLET NOTATION WILL 
BE MAILED TO YOU (PARIS) WITHIN TWO WEEKS. KISSINGER 
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